INSTALL GNO. CONNECTOR 


j. *" CDT, 

A* COT- GNO BUSH 

1* #'/0 CNO W!R£ 

REMOVE EXIST. 
AND INSTALL 



EXIST 5" COT. 


EXIST. COT. GNO. 
CONNECTOR 



^#1/0 GND. WIRE 
TO GND. BUS 


TO GND. STRAP 
ON S?LfCE 


EXIST. J5KV 
SPLCE CABINET 


CONNECT TO EXIST. 
GND. WIRE 


EXIST. #1/0 GND. WIRE 


■.SECTION o-n 


4" CDT. TO SWGR. 


3-1/C 350MCM. 15KV. 
& 1 #1/0 GND. (CU.) 


#1/0 GND. WIRE. SEE 
SPUCE CABINET GND. 
CONNECTION DIAGRAM 


"V SPLICE - (3) 


EXIST. CDT. GND. 
CONNECTOR 


EXIST. 5" CDT. 


SPUCE CABINET GROUMfl cnNNKpinN ffllMfflftM 
TYPICAL FOR STEP jj & £ 
NOT TO SCALE 


STEPS REQUIRED FOR 15W, 


FEEDER INSTALLATION 

DE-ENERGIZE FEEOER. 


Z. - REMOVE EXIST. ARCPROOF1NG. 

jL - BREAK EXIST. SPLICES (3) AND 

DISCONNECT GND. WIRE AS REQ'D. 

±. - REMOVE EXtST. CONDUIT & WIRE TO 
1500KVA TRANS'F, SWITCH. 

5_ - INSTALL CONDUIT * WIRE TO 
20O0KVA TRANS'F. BKR. HV-B. 

£_ - RE-MAKE SPUCES (3) AND CONNECT 
GND WIRING AS SHOWN. (REMOVE 
BARRIER IF REQ'D.) 

I_ - MAKE CONNECTIONS AT ZOOOKVA. 
TRANS'F. BKR. HV-B. 

fi_ - INSTALL ARCPROOFING. 

i. - TEST FEEDER AND RE-ENERGIZE. 


^ SCREW COVER 

J CABLE TERMINATOR 
M ARMOR CABLE SUPPORT 
(.GROUND CLAMP 

-EXIST. 



EXIST. 5" COT., 
1-3/C - 250MCM 
15KV ARMORED 
RISER CABLE 


GROUND CLAMP j 
ARMOR CABLE SUPPORT IgxtST. 

CABLE TERMINATOR J 


REMOVE EXIST. & 
INSTALL CABLE SUPPORT 


REMOVABLE 
BARRIERS 


, EXtST. 3-I/C 
/ 250MCM 15KV. 
/ CABLE (AL.) 


■2 * fi COVER REMOVED 


EXIST. 5" CDT., 
1-3/C - 250MCM 
1SKV ARMORED 
RISER CABLE 



EXISTING 15KV. 
(AL) RISER CABLE 
TO SUBSTATION 
/SS-108W 

^ — EXISTING 5" EC. 


NOTES 

1.- FOR LEGEND SEE DWG. e-l. FOR 
GENERAL NOTES, ABBREVIATIONS 
AND UGHTINC FIXTURE SCHEDULE 
SEE DWG. E— 2. 

2- FOR CONSTRUCTION STACWC SEE 
DWO. #CS-1. 

3.- FOR WORK PREFORMED ON SUBSWTON 
SS-75W IN STAGE U A M SEE THE 
FOLLOWING DRAWINGS: 


sh«t of 224 


JlSL 

DWG 
DWG 


TYPICAL SUBSTATION 
LOAD TRANSFER 


rAC£ g of 

#E-5 - 
#E-75 - 


* STAGE TO OWV 


EXIST. 15KV. 
SPUCE CABINET 


COVER ON 


SCREW COVER 


/E-6 - TYPICAL SUBSTATION 
fE-76 - LOAD TRANSFER 


JDL 


rfEMWffl STACF Tf 

fE-68 (THIS DWG) SWGR. EQUIP. 
iE-69 - 4S0V ONE UNE OttCRAM 
IE-70 - COT. * CABLE SCHED. 
IE-71 - SWGR. EQUIP. PLAN 
1E-72 - 75th Ft CTRL CDT 
IE-73 - 75th a COT LAYOUT 
lE-74 - 76th a COT LAYOUT 


SECTION A-A 
NOTE: PF-B1, B2, & 63 ARE TYPICAL 


tSPUCF CARIMFT 

front elevation 


75th FL. 


EXISTING 5* E.C. 


EXISTING 15KV (AL) 
RISER CABLE FROM 
SUBSTATION #SS-*1W 


DETAIL "A" 


15KV. SPUCE CABINET 

0 12 3 

SCALE in "FEET 



iKPom-JwiHoiMnr 

CEPKK7®Ga=D 



' PF—84C— 7FUP. 
TO EXIST. TR-4 


PF-64S 


TO SWGR. ! j£=4 
SEE DWG- f£=? 


LOCAL CONTROL CABINET • 





ATS- 
75W-B 




75W-1 


i 


IX. 


7SW-A4 

7SW-A4 



75W-A.2 

75W-A? 

HV-B4 

JE=i 



TR-2 

HY-B2 

-136KV- 


. 480/ 

277Y. 


-13.9KV- 






SEE NOTE #3 


— STEP ©STAGE XT 
, X SEE DWG #£-5 - 

- V ST£P® STAGE HI 
SEE DWC #E-6 — 
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-Mate 


THte 

TOWER ONE AND TWO 
LOW VOLJAGE 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL 

SUBSTATION SS-75W 
STAGE U AND HE 
SWITCHGEAR EQUIPMENT- 
RISER DIAGRAM 


Dot* R*vi»ion 


TN* *»wog **}cct to condMom to contract 
AH iwwlwa, Mm. cta^mi end method ^ 
nwn of* r*e*rv«d to Port Authorft* and ~ 
may not to UM(f wflhout Ri *rK«* cormM. 


LEAHY/ 
FISCHER 


LEAHY 


it. 


OmS^s*! by Own by Chwted 


15KV FEEDER & SWGR. BUSWAY 


Datt &GI~9S 
COdMet Number 


Scete AS NOTED 


: Growing Number 

WTC 802 .071 £-=-68 


